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Knglish practice- is as follows: Rain-water or down-pipes should have a bore or internal area of at least one square inch for every Go square feel of roof .surface in temperate climates, and about 35 .square feet in tropical climates. They should he placed not more than Jo Ctrl apart, and should have, gutters not less in w\lth than twice the diameter of the pipe.
The practice among American architects is to provide about one siimare inch of conductor area for each 75 square fcot of roof surface; no conductor It-ss than J inches in diameter being used in any case.
('eif)JiVc'.......There arc many methods of finishing the gables and
caves of buildings. A gable finish for a steel end, and for a brick end
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G<l&e finish tor Steel End                Goblo Finish with Brick Wall
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